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NEW WORK ROOF PLAN - ELECTRICAL 


SCALE: 3/32" - 1'-0" 
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NOTES THIS SHEET 























ROOF TOP EXHAUST FAN, 1/3 HP, 120V, SEE SHEET E2.5G FOR CONTINUATION OF CIRCUIT. 

ROOF TOP EXHAUST FAN, 1/2 HP, 120V, SEE SHEET E2.5G FOR CONTINUATION OF CIRCUIT. 

ROOF TOP EXHAUST FAN, 1/8 HP, 120V 

ROOF TOP UNIT, RTU-6, 55FLA, 480V, 39. PROVIDE 100A FUSED SAFETY SWITCH, FUSED G 70A. 

ROOF TOP EXHAUST FAN, 1/25 HP, 120V. 

[6] ROOF TOP EXHAUST FAN, 1/20 HP, 120V. 

NU SPLIT SYSTEM, DSS-A, OUTDOOR UNIT, 16.5 MCA, 208, 19. PROVIDE 30A, 2 POLE, FUSED SAFETY SWITCH, FUSE QG 25A, 


ROOF TOP SUPPLY FAN, 1/3 HP, 120V. 


[2] [s] 


ROOF TOP SUPPLY FAN, 1/4 HP, 120V. 
ROOF TOP SUPPLY FAN, 1/6 HP, 120V. 
NOTE NOT USED 
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NOTE NOT USED 
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